ETAL VN 


Clima Heating Services Ltd 


‘company / Installe! 
Engineer 


Company Clima Heating Services Ltd 
Address 4 


Flockton Crescent 


Sheffield 
South Yorkshire 

PostCode $13 90R 

Tel No. 

Gas Safe Reg 

ID Card No. 

ecaton Aoplance Type 

1) Plant Room Boller 
2) Plant Room Boller 
3 

4 

5 

6 


efects / Identified 


auewne 


Non Domestic Gas Safety Record 


Safety Inspection and reporting carried out in accordance with the Gas Safety (Installation and Use) Regulations and the Gas Industry Unsafe 
Situations Procedure No detailed internal inspection of flues (integrity, construction and lining) has been carried out. 


job Address} 


Name UoS Accommodation Village 
Address Lawrencefield BC 
Endcliffe Avenue 
Sheffield 
South Yorkshire 
PostCode S10 3EA 
Tel. No 


Inspection Details} 


Make Mosel Flue Type | Landlord's Appllance inspected | Operating Pressure | Hest Input (kW) 
eplance ‘(mbar) 

Viessmann VITODENS 200 WB2C RS Yes Yes 19.1 82.5 

Viessmann Vitodens 200 WB2B RS Yes Yes 19.2 34.4 


Labels and Warning Notice Issued 


Cert. No. 226 
Endcliffe Avenue 
Sheffield 
South Yorkshire 
PostCode S10 3EA 
Tel. No 01142 224948 
‘igh Cambustion | Low Combustion Sefety devices Ventlation |Vsusl condition) Flue | Applonce 
Reoding eoang "cares | Prion | tue and”) ererance | Sevced 
= ee] = Se “| ees 
0.0001 14 8.2/0.0000 1 |8.4) Yes Yes Yes Pass Yes 
(0.0005 30 8.6,0.0000 4 |8.6. Yes Yes Yes Pass Yes 


Emergency Control Accessible Yes Gas Tightness Satisfactory Yes 


No Gas Installation Pipework Visual Inspection Satisfactory Yes 
No Equipotential Bonding Yes 
NEXT INSPECTION DUE ON OR 16-Feb-2023 
BEFORE 


Tested operation and Let By of Gas Solenoid Valve, all okay 0.0mb let by 


Issued by: Signed 


Print Name 


Received Signed 
by: 


Print Name || 


-opilance sate 
touse 


Yes 
Yes 


